STATUTES AT LARGE

(h) Polyphase meters, connected through current transformers or cur-
rent and potential transformers, to circuits of over 50 K.W. rated capacity,
shall be tested at least once every 18 months. (Filed, secretary state's of-
fice-November 8, 1937.)
Rule 17. Meter Testing on Request of Consumers. (a) Each utility
shall, at any time (when requested in writing by a consumer) upon rea-
sonable notice, test the accuracy of the meter in use by him.
No deposit or payment shall be required from the consumer for such
meter test except when a consumer, whose average monthly bill for elec-
tric service is less than $25.00, requests a meter test within six months
after date of the installation or the last previous test of his meter, in
which case he shall be required by the utility to deposit with it, to cover,
the reasonable cost of such test, an amount not to exceed the following:
(1) For direct current and single phase meters operating on
600 volts or less, up to and including 25 amperes rated capacity
of the meter element................................$1.50
(2) For each additional 50 amperes or fraction thereof.......... .50
(3) For single phase meters above 600 volts, and for polyphase
meters, with or without instrument transformers, up to and
including 25 K.W. rated capacity of the circuit............$2.50
(4) For each additional 25 K.W. rated capacity or fraction there-
of ................................................$2.50
Rates for meters not included in above classification or so located that
the cost is out of porportion to the fee specified, will be furnished by the
Commission upon receipt of complete specifications.
(b) The amount so deposited with the utility shall be refunded or
credited to the consumer, as a part of the settlement of the disputed ac-
count if the meter is found, when tested, to register more than 3% fast,
otherwise the deposit shall be retained by the utility.
(c) A consumer may be present when the utility conducts the test on his
meter, or, if he desires, may send an expert or other representative ap-
pointed by him.
(d) A report giving the name of the consumer requesting the test, the
date of the request, the location of the premises where the meter has
been installed, the type, make, size, and serial number of the meter, the
date of removal, the date tested, and the result of the test, shall be sup-
plied to such consumers within a reasonable time after the completion
of the test. (Filed, secretary state's office-November 8, 1937.)
Rule 18. Adjustment of Bills for Meter Error. (a) Fast Meters. If on
test of any electric meter made by the Commission, as may be later au-
thorized, or the utility under Rules 16 and 17, whether at the request of
a consumer or not, it may be found more than 3% fast, the utility shall
refund to the consumer such percentage of the amount of his bills for
the period of 60 days, just previous to the removal of such meter from
service, or, for the time the meter was in service, not exceeding 60 days,
as the meter shall have been shown to be in error by such tests in ex-
cess, of 3%. Provided, however that if the error was due to some cause,
the date of which can be fixed, and which date is within 60 days' period,
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